GAS BOOSTER Check List SELIMA 


HEATING SERVICES 


EQUANS Address: : ; 
Endcliffe Crescent, Sheffield $10 3EA 
Landlord 


Gas Booster Details 


Engineer: 
Gas safe number : 


Customer name: 
Site: 


Serial Number Location 
BO1342P UoS Accommodation Village, Ranmoor Site, $10 


Checks 
Natural Ventilation (2% of floor area direct from outside) MIN 
Mechanical ventilation ( interlocked) 
Anti Vibration Mounts (condition and security) 
lexible Inlet (condition and suitability) 
lexible Outlet (condition and suitability) 
elts and Pulleys (condition and tension) 
lectrical Connections (secure with no signs of overheating) 
Non Return Valve (position and security) check for letby 
earings (excess wear/noise/vibration) 
eals (gas tight) 
haft Movement (Radial/Axial) 
nlet Pressure Switch (setting min. 10mb.) should be higher? 
Outlet Pressure Switch (if fitted) (setting) 
ontrols (operation) 
afety Devices (operation) 


Comments 


Checked and tightened 


mn 


Good condition, no wear 


m 


LDF all joints 


10mb 
30mb 
Recommend modulation or loop fitted 


Recommedations 


Repaint where minor corrossion has occurred 
Recommend resevoir installed to Pressure Switches 
[Test instrument serial number——idY Sdpaaaaeng3—] CY 


Declaration of gas safety- | confirm that all of the above work described on this form has been satisfactorily completed in accordance with the current Gas Safety 


(installation and use) regulations, 


04/05/2022 


[SEE EE eee 


a 


